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Sec. 4. All plans shall be submitted in duplicate, one copy to be re-
tained on file by the Board and one returned to the owner. Plans shall
be approved as to structural, mechanical and electrical features by
licensed engineers before being submitted for approval by the Board, and
shall include:
(a) General plans.
(b) Detailed plans.
(c) Specifications.
(d)  Engineers' report.
(e) All wells, intakes or other sources of supply.
(f) The purification plant.
(g) All mains with their sizes.
(h) All shut-off valves, hydrants.
(i) Storage or distribution reservoirs.
(j) Small scale map of watershed.
Sec. 5. Detailed plans for waterworks shall show:
(a) Details regarding intake pipe, crib, screens, etc., if water is taken
from a stream or lake.
(b) If ground water supply, details of the well or spring, the manner
of protecting the surface from surface wash or other pollution. A sketch
showing all possible sources of pollution within 500 feet, and the direction
of the ground water flow.
(c) Complete details of the purification plant, including sedimentation
and settling chambers, collecting and piping system, methods of applying
various chemicals, filters, including depth, size and uniformity of various
strata, washing arrangements, pumps, special devices, etc.
(d) Details of the pumping station and equipment.
(e) Any special appurtenances or fixtures in connection with the dis-
tribution system.
(f) Details of elevated tanks, stand pipes or reservoirs used for
storage of water.
Sec. 6. The engineer's report for waterworks shall cover:
(a) State the present and estimated population twenty-five years hence
for municipalities, for institutions, the present and ultimate capacity.
Any special conditions that might affect the growth of the municipality
or institutions, also any industrial activities that may affect the require-
ments of the water supply should be discussed. Give estimate of the daily
total and per capita consumption, both for the present and future popu-
lation.
(b) The source of supply. Results of chemital and bacteriological
analyses. If surface supply, the area, population, and a description of the
tributary watershed shall be given. All possible sources of pollution,
topographical and geographical features of the watershed, and other
conditions that might in any way affect the quality and quantity of the
supply shall be discussed in detail.
(c) Purification-State reason for adopting the method of purification
outlined, specifying any experimental work done. Describe any special
appliances.


